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AMENDMENT NO. 1 APRIL 2005 

TO 

IS 947 : 1985 FUNCTIONAL REQUIREMENTS FOR 

TOWING TENDER FOR TRAILER FIRE PUMP FOR 

FIRE BRIGADE USE 

( First Revision ) 

( Page 12, Appendix A, Si No. 41 ) — Substitute the following for the 
existing: 

Tire extinguisher, CO2 type with squeeze grip, 4.5 kg {see IS 2878 : 
2004'^)'. 

Specification for fire extinguisher, carbon dioxide type (portable and trolley mounted) {third 
rtvisiun). 

( Page 12, Appendix /\, SI No. 43 ) — Substitute the following for the 
existing: 

*Firc extinguisher, clean agent {see IS 15493 : 2004* ^)\ 

12 
Gaseous fire extinguishing systems — General requirements. 
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IS t 947 . 1985 

Indian Standard 

FUNCTIONAL REQUIREMENTS FOR 

TOWING TENDER FOR TRAILER FIRE PUMP 

FOR FIRE BRIGADE USE 

( First Revision ) 



0. FOREWORD 

0*1 This Indian Standard ( First Revision ) was adopted by the Indian 
Standards Institution on 30 August 1985, after the draft finalized by the 
Fire Fighting Sectional Committee had been approved by the Civil 
Bngineering Division Council. 

0.2 A number of Indian Standards on trailer pumps have been 
formulated and in order to supplement the requirements in respect of the 
pumping capacity and other necessary fire fighting equipments, towing 
tenders are attached with the large trailer pumps specially in rural areas 
and industrial complexes. This standard has, therefore, been formulated 
to give functional requirements relating to such towing tenders. This 
standard was first published in the year 1960. This revision has been 
prepared so as to base the appliance according to the available chasis 
and also up-to-date various requirements besides keeping them in line 
with similar Indian Standards. While revising this standard the title has 
been revised as in present form, it will not be possible to cover this in 
ISI Certification. The technical committee is, however, developing a 
suitable durability test which may ensure a reasonable life of this 
appliance. After this test is developed the same will be incorporated in 
this standard and standard will be made certifiable. 

0.3 A list of accessories and equipment which do not form part of this 
appliance and most of which are normally required to assist in operation 
of the appliance is given in Appendix A for information and guidance. 
The appliance shall also conform to statutory rules, in regard to height 
clearance framed by transport authority. 

0.4 For the purpose of deciding whether a particular requirement of 
this standard is complied with, the final value, observed or calculated, 
expressing the result of a test, shall be rounded off in accordance 
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with IS: 2-1960*. The number of significant places retained in the 
rounded off value should be the same as that of the specified value in 
this standard. 



1. SCOPE 

1*1 This standard lays down the requirements regarding material; design 
and construction; workmanship; and finish; accessories and equipment 
for towing tender for large trailer pumps for fire brigade use. 

2. GENERAL REQjUIREMENTS 

2*1 The appliance shall incorporate, a crew compartment for six persons 
including the driver, towing hitch and arrangements for stowage of 
equipment /accessories ( see Appendix A ). 

2.2 The towing tender shall be fabricated in a manner so as to conform 
to the following characteristics: 

a) Engine out put not less than 65 kW; 

b) Pay load: Not exceeding 5 000 kg; 

c) Maximum cruising speed onlevel road, fully laden coupled with 
trailer — 64 km/h; 

d) Acceleration from a standing start through the gears, fully laden 
64 km/h in 55 seconds; 

e) The appliance coupled with trailer shall be capable of being 
started from rest on a gradient of 1 in 4; 

f ) When travelling at 48 km/h on a level dry surface the foot 
break shall be capable of stopping the vehicle within a distance 
of 15 m from the point at which the brake is applied. The hand 
brake shall be capable of holding the fully laden appliance 
coupled with trailer on a dry surface gradient of 1 in 4 when in 
neutral gear; and 

g) The appliance shall have the following overall dimensions: 

i) Wheel base Not more than 3 600 mm 

ii) Turning circle Not more than 16 m 

iii) Road clearance Not less than 230 mm 

iv) Overall width Not more than 2*50 m 

v) Overall height Not more than 3*35 m from ground level 



* Rules for rounding off numerical values ( nmui). 
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2*3 The appliance covered by this standard shall carry a 7*5 m extension 
ladder ( see Appendix A ) on ladder gallows and shall tow a trailer pump. 

tA Provision shall be made, to carry, one portable pump 
(5#eIS:942-1982*). 

2.5 The unit shall be designed to be as compact as possible compatible 
with ease of accessibility to all service pans. 

S. MATERIAL. SBLBCTION AND TREATMENT 

S«l The choice of materials to be used for tbe construction of the 
appliance shall be made with a view to combine lightness with strength 
and durability. 

3.2 Timber shall not be used in body construction. 

5.3 The appliance is intended for use in tropical conditions with constant 
high humidity and heat. This shall be given full consideration while 
selecting the materials and, for this reason, use of rubber or other similar 
materials shall be avoided. 

3.4 Lubricating nipples shall be provided wherever necessary. 

4. DESIGN AND GONSTRUCHION 
4.1 



4.L1 The engine shaU be oil-fuel type ( compression-ignition ) and 
capable of developing tbe minimum power required to drive the fully 
laden appliance coupled with trailer fire pump large with equipment 
( see IS : 944-19791 ) at normal speed without any preliminary running 
period. 

4LL2 The operating temperature of the, engine cooling water shall 
preferably be thermostatically controlled. 

4.1.3 The oil in the oil sump shall be prevented from over-heating. 

4»I«4 Suitable gaun for coolu^ water and glow lamp for lul^ricating 
system shall be provided in the driver's cab. This shall be marked with 
operatmg temperature. 



^FimctioiMd requiremeDto for 275-//inin poruibl« pump set for fire fighting (ucond 
tVimetioael reqaifement of 1 fiOO-i/mIn treilor pump for fire brigade uae ( t§emid 
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4.1.5 External filter shall be provided for the lubricating system and 
a tubular dip-stick to gauge the level of oil in the oil sump shall be 
provided. 

4L2 Electrical System 

4Jt.l A trickle type battery charger shall be provided for recharging 
the battery in situ. A red pUot lamp, indicating when the batteries are 
being charged from an external supply shall be provided. 

4JIJZ All important electrical circuits shall have separate fuses suitably 
indicated and shall be grouped into a common fuse box located in an 
accessible position in driver's cab and fitted with means for carrying 
spare fuses. The wiring shall be single pole and shall not be exposed to 
the atmosphere. Conduits shall be used wherever necessary. 

4.9 Body Work mnd Stowage 

4.3^1 Enclosed accommodation for six persons shall be provided in the 
driver cab-cum-crew compartment including the driver and the incharge 
of the crew. Two doors on each side shall be provided on the driver 
cab«cum-crew compartment. The doors shall be hinged opening 
outwards and shall be hung forward and shall have catch locks and 
flush type handles. 

4«3.2 The cab and lockers should be of metal construction with 
sufficient rigidity and reinforcement and shall be kept as light as possible. 
Pressed sections of sufficient strength shall be used for the 
super-structure. 

4.3.3 Lockers shall be provided for secure stowage of all equipment 
given in Appendix A. The height of the lockers from the bottom 
to the top of the opening shall be not less than 600 mm and the depth 
not less than 600 mm. 

4.3.4 All lockers shall be provided with internal automatic lighting 
arrangement with the master switch in the cab. The doors of the side 
lockers shall not be hinged at the bottom. 

43JI Hose tunnels shall be provided to carry for 2*5 m lengths of 
suction hoses in convenient location. The tunnels should be sloped in 
such a way so that these allow the water or contents left in the hose 
after use to drain out. 

4.SiS A suiuble compartment opening in the rear and fitted with 
hinged door opening outwards shall be provided for portable pump. 
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4*3«7 Provision for wireleM equipment to suit requirements if required 
shall be made; the control panel of the wireless equipment shall be 
located in the driving compartment. 

4.3.8 Spring loaded towing hitch made of mild steel shall be provided 
at the rear of the chasis fitted on a sub- frame securely fixed on main 
chasis frame. 

4.3.9 The construction of the roof shall be such that it will support a 
weight of one man. 

4.3.10 Grab-rails and non*slip steps shall be provided wherever 
required to assist the crew to mount and dismount and to give access to 
the roof of the appliance. 

4.3.11 Ladder gallows shall be provided to carry a 7*5 m extension 
ladder. The design shall be such that the ladder can be released without 
difficulty from a reasonably accessible position and shall embody rollers 
to permit easy withdrawal by one man. Means shall be provided from 
locking the ladder when stowed. 

4.3.12 Provision shall be made at the roof of the appliance for fixing a 
stand for portable search/floor light having 30 m coil to carry. 

4.3.13 A specially fitted recessed tray container for the normal kit of 
tools carried on the appliance shall be provided. 

4.4 Stmbility — The stability of the appliance shall be such that, when 
under fully e<^uipped and loaded conditions ( but excluding crew ), if the 
surface on which the appliance stands is tilted to either sidei the point at 
which over-turning occurs is not passed at an angle of 30 degrees from 
the horizontal. 

5. WORKMANSHIP AND FINISH OF APPLIANCE 

5.1 All parts of the appliance shall be of good workmanship and shall 
have streamlined finisn. 

5.2 The appliance shall be painted in fire red colour conforming to 
Shade No. 536 of IS : 5-1978*. The paintshall oonfrom to IS : 2932-1974t. 



^Coloufs for ready mixed paiatt and enamcb (lAM rmdm ). 

fSptcificatioii for enamal» lynthetiCy exterior (a) under-coating^ (b) imkhing 
iJkU nrisim). 
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S. INSTRUCnON BOOK, ACX2B8SORIES AND BQJDIPBfBNT 

6.1 Ittgtroct to n Bode — Instruction book(s} for the guidance of the 
U8er(8) including both operatinff and normal maintenance procedure 
shall be provided. The book(s) diall include an itemised and illustrated 
spare parts list giving reference numbers of all the wearing jparts. 

C.2 Acceesories 

&2«1 The following accessories shall be provided in addition to those 
normally fitted on modern commercial vehicles: 

a) Fin bell — A 250 mm diameter fire bell shall be mounted 
externally and shall be capable of being operated from within 
the driving compartment. The bell shall be of the hand 
operated type. 

b) Head lamps — Two. 

c) Fog lamps — Two. 

d) Reversing light — Suitably situated to assist reversing. 

e) Amber blinker lights — Situated on the head of the driving 
compartment. 

f) Trafficators — Illuminated with indicating lights on instrument 
panel or in any other prominent position in driving 
compartment. 

g) IVind screen wipers 

h) Tools -^ All tools required for normal routine mamtenance of 
the appliance which are not included in the kit for the chasis. 

j ) Siren — Battery operated. 

k) Search light ~ Adjustable to give flood or beam light, mounted 
in a convenient position but capaUe of being readily 
disoonnected4md mounted on a tripod away from the appliance, 
complete with tripod and with not lea than SO m of TRS cable 
on a reel mounted on the appliance. 

m) Spot light — Adjustable, mounted in a convenient position on the 
near side of the driving compartment. 

n) InspecHm Umt — Protected type on wander lead with plug. A 
socket dial! be provided in the control panel in the driver's cab 
for plugging in the lamps. 

8 
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p) Tail lamps — Two of combined stop and tail. 

r ) Wind scran washer — Fitted in a suitable location with controls in 
driving compartment. 

s ) Cas4 instrument panel and locker light. 

t ) Public address system ( if required), 

1. MARKING 

7«1 Each appliance shall be clearly and permanently marked with the 
following information: 

a) Manufacturer's name or trade-mark, if any; and 

b) Year of manufacture. 



APPENDIX A 

( Clauses 0-3, 2.1, 2-3 and 4.3.3 ) 

SCHEDULE OF EQ^UIPMENT TO BE SUPPLIED 
WITH THE APPLIANCE 

SI Items Quantity 

No. 

1. Extension ladder — 7'5 m {see 18:930-1977* or 1 
IS:4571-1977«) 

2. Suction hose complete with coupling — 2*5 m long 4 length 
(see IS : 2410-1963' and IS : 902-1974^ ) 

3. Deliyery hose, 63 mm, in 30 m lengths 12 length 
{see Type II of IS : 636-1979<) complete with 
instantaneous couplings ( see IS : 903-1984* ) 



^Specification for wooden extension ladder for fire brigade use {first reoisien ). 

'Specification for aluminium extension ladder for fire brigade uie (first npisim ). 

^Specification for suction bote of rubber for fire services. 

^Specification for suction bote couplings for fire figbting purposes ( suomd rtvisum ). 

"Spedfication for fire figbting bote (rubber lined, or rubberized fabric lined, 
woven-jacketed ) ( second noision ). 

^pedficadon for fire bose delivery couplings, brancb pipe^ nosxles and nMsle 
^fMumer ( thiri reoision ). 
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Si Items Quantify 

No. ^ ^ 

4. Suction stainer for item --2 {see IS: 907-1984^ ) 1 

5. Basket stainer for item — 2 ( i^^ IS : 3582-1984* } 1 

6. Dividing breaching ( see IS : 5131-1986' )l 2 

7. Collecting breaching ( see IS : 905-1980* ) 2 

8. Suction wrenches (see IS : 4643-1984' } 1 pair 

9. Long line, 50 mm circumference, 30 m long 2 lengths 
{see IS: 1084-1983') 

10. Short line, SO mm circumference, IS m long 2 lengths 
(see IS: 1084-1983«) 

11. Hose bangages[i^if IS: 5612 (Part 1)-19777] 12 

12. Hose clamps [ see IS : 5612 ( Part 2 )-1977« ] 6 

13. Hydrant valve key and bar ( see IS : 910-1980* ) 1 set 

14. Fog nozzle (j«i? IS: 952- 1986>o) 1 

15. Hand controlled branch for 63 mm size hose 1 
coupling 

16. Branch pipe, universal ( see IS : 2871-1983^* ) 1 

17. Branch with revolving head ( see IS : 906-1972^' ) 1 



^Specification for suction ttraioeri, cylindrical and shoe types, for fire fighting 
purposes ( s$cond revision )• 

'Specification for basket strainers for fire fighting purposes ( cylindrical type ) 
(jirsl reoisimt ). 

'Specification for dividing breeching with control, for fire brigade use (first revisian), 

^Specification for delivery breechings, dividing and collecting^ instantaneous pattern, 
for fire fighting purposes (sewndremtian). 

'Specification for suction wrenches for fire brigade use {first nvisien ). 

'Specification for manila ropes ( third repision ). 

'Specification for hose-clamps and hose-bandages for fire brigade use: Part 1 Hose- 
clamps ( first roision ) . 

'Specification for hose-clamps and hose-bandages for fire brigade use: Part 2 Hose- 
bandages ( first reetsisn ) . 

'Specification for combined key for hydrant, hydrant cover and lower val/e 
(isemrmftsa), 

^'Specification for fog nozsle for fire brigade use {first reoisim ). 

^Specification for branch pipe, universal, for fire fighting purposes {first reoisien ). 

^'Specification for branch with revolving head for fire fighting purposes ( seeend 

rsfjiiea). 
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SI 

No. 

18. 
19. 



Items 

Branch pipe ( see IS : 903-1984^ ) 

Nozzle of sizes 12 mm, 16 mm, 20 mm and 32 mm 
( two each ) ( see IS : 903-1984^ ) 

20. a) Adaptor for 100 mm suction female screw 

coupling and 63 mm male instantaneous 

b) Adaptor double male instantaneous pattern 
63 mm 

c) Adaptor double male instantaneous pattern 
63 mm 

21. Nozzle spanner ( see IS : 903-19841 ) 

22. Portable electric box lamp with rechargeable 
accumulator 

23. Hand lamp ( torch — 4 cells ) 

24. Flame-proof lamp (usable in the presence of 
inflammable gases or vapours) 

25. Self contained breathing apparatus ( compressed air 
type) complete with spare cylinder and tool kit 

[ See IS : 10245 ( Part 2 )-19822 ] 

26. First aid box for 10 persons 

27. Rubber gloves ( in case ) ( see IS : 4770-1968* ) 

28. Asbestos gauntlet ( in case ) 

29. Axe large {see IS : 703-1966* ) 

30. Spade ( w IS : 2238- 1 979» ) 

31 . Pick axe ( see IS : 273.1973* ) 

32. Crow bar ( see IS : 704-1968^ ) 



I8t947-lf85 

Qjiantity 

4 
10 

2 

2 

2 



2 
2 

2 
2 

1 set 



pair 
pair 



^Specification for fire hoie delivery coupliDgi, branch pipe» nozzles and nozzle 
spanner ( third rensim ). 

'Specification for breathing apparatus: Part 2 Open-circuit breathing apparatus. 

'Specification for rubber g loves for electrical purposes. 

^Specification for axes ( reoised), 

'Specification for spades and seprangs ( first revision ). 

'Specificaticm for picks and beaters ( second nvishn ). 

'Specification for crow-bars and claw.bars {first revision ). 
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SI Items QyafUity 

No. 

33. Sledge hammer, 6*5 kg ( see IS : 84M968^ ) 

34. Carpenter's saw, 60 cm ( see IS : 5098-1969^ ) 

35. Hydraulic jack — 7"5 tomie 

36. Fire hook ( see IS : 927-198 1» ) 

37. Tool kit 

38. Foam making branches ( see IS : 2097- 1983^ ) 1 each 

39. Fire extinguisher, water type 9 litres ( see IS : 940-1976* ) 

40. Fire extinguisher, foam type 9 litres ( see IS : 933-1976* ) 

41 . Fire extmguither. CO, type 5 kg ( see IS : 2878-1976' ) 2 

42. Fire extinguisher, dry chemical powder type 10 kg 2 
{seelSi2n\A9Kfi) 

43. Fire extinguisher, BCF type 2 kg ( j^i? IS : 1 1 1 08- 1984» ) 2 

44. Shears ( bolt copper ) 1 

45. Stretcher (wf IS: 4037-1967'«) 1 

46. Foam compound [ see IS : 4989 ( Part 1 )-1985*^ ) 80 litres 



^Specification for band hammen (first reviswn ). 
^Specification for crot»-cut and rip lawi. 
'Specification for fire hookj ( surnid remsi§n ), 
^Specification for foam- making branch pipe (first tewum ). 

'Specification for portable fire extinguisher, water type ( gat pressure ) ( second 
feviswn }. 

'Specification for portable fire extinguisher, foam type ( acand rsrisim ). 
'Specification for portable fire extinguishers, carbon-dioxide type {firsi rensim ). 
'Specification for portable fire extinguishers, dry power type ( third renswn ). 
'Specification for portable fire extinguisher Halon 1211 type. 
Specification for strechers and strecher carriers. 

^^Specification for foam compound for producing mechanical foam for fire fighting: 
Part 1 Pvotien foam ( second ftnsion). 
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( Continued from page 2 ) 

Fire Fighting Units Subcommittee, BDC 22 : 3 

Convener 

Shri p. N. Ghosh 
J-1916 Chitiaranjan Park, New Delhi 

Members Representing 

Shri Maiibru C. Aoarwal Ilrijbaii Udyog, Mathura 

SuRi P. S. Uankujre ( silternate) 
Shri S. K. Bose Chemical Industriirs Co Pvt Ltd, Calcutta 

Shui K. K. Dasoxjfta Wtit Bengal Fire Services, Calcutta 

Sjtui V. P. Dkwan Miriijiry of Defence ( DGI ) 

Lt-Col V. R. Banauati ( Alternate ) 
Siiui S. K. Dheui Municipal Corporation of Delhi (Delhi Fire 

Service), Di-lhi 
Shui R. K. Bhardwaj (Alternate) 
Fill IS AovtsEu Ministry of Home Affairs 

Managing DiREOTOH Avon Services (Production Agencies) Pvt Ltd, 

Bombay 
Shui P. N Mehrotra Institution of Fire Engineers ( India ), New 

Delhi 
Shut B. R. Mehta ( Alternate ) 
Buio S A. MoHii.E Ministry of Defence (R&D) 

Shri A. K. Suui ( Alternate) 
Shui V. B. Nik am Municipal Corporation of Greater Bombay 

( Bombay Fire Brigade), Bombay 
Shri H. M. Sabadra Reliable (Fire Protection) Industries, Bombay 

Shui P. H. Sethna Kooverji Dovshi & Co (P) Ltd, Bombay 

Shri N. T. Panjwani ( Alternate ) 
Shri S. Venkaswamy Directorate General of Civil Aviation, New Delhi 

Shri B. V. Waolb Urban Development, Public Health & Housing 

Department, Government of Maharashtra, 
Bout bay 
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•Eastern : 1 /1 4 CIT Scheme VII M. V.I.P. Road, Maniktola, CALCUTTA 700054 337 86 62 

Northern : SCO 335-336, Sector 34-A, CHANDIGARH 1 60022 60 38 43 

Southern : C.I.T. Campus. iV Cross Road, CHENNAI 6001 13 235 23 15 

tWestem : Manakalaya. E9, Behind Marol Telephone Exchange, Andherl (East), 832 92 95 
MUMBAi 400093 

Branch Otflc0B:: 

'Pushpak*, Nurmohamed Shaikh Marg, Khanpur, AHMEDABAD 380001 550 13 48 

tPeenya Industrial Area. 1 st Stage, Bangabre-Tumkur Road, 839 49 55 
BANGALORE 560058 

Gangotri Complex, 5th Roor, Bhadbhada Road, T.T. Nagar, BHOPAL 462003 55 40 21 

Plot No. 62-63, Unit VI. Ganga Nagar. BHUBANESHWAR 751001 40 36 27 

Kalaikathir Buildings, 670 Avinashi Road, COIMBATORE 641037 21 01 41 

Plot No. 43, Sector 16 A, Mathura Road, FARIDABAD 121001 8-28 88 01 

Savitri Complex, 1 1 6 G.T. Road, GHAZIABAD 201 001 8-71 1 9 96 

53/5 Ward No.29, R.G. Barua Road, 5th By-lane, GUWAHATI 781003 54 1 1 37 

5-8-56C, L.N. Gupta Marg, Nampally Statk>n Road. HYDERABAD 500001 20 1 83 

E-52. Chitaranian Marg. C- Scheme, JAIPUR 302001 37 29 25 

1 1 7/41 8 B, Sarvodaya Nagar, KANPUR 208005 21 68 76 

Seth Bhawan. 2nd Floor. Behind Leela Cinema, Naval Kishore Road, 23 89 23 
LUCKNOW 226001 

NIT Buikiing. Second Floor. Qokulpat Market, NAGPUR 44001 52 51 71 

Patliputra Industrial Estate, PATNA 80001 3 26 23 05 

Institution of Engineers (India) Building 1 332 Shivaji Nagar, PUNE 41 1 005 32 36 35 

T.C. No. 1 4/1 421 . University P. O. Palaym. 7HIRUVANANTHAPURAM 695034 6 2117 



*Sales Offk:e is at 5 Chowringhee Approach, P.O. Princep Street. 27 1 85 

CALCUTTA 700072 

tSatet Offtoe is at Novelty Chambers. Grant Road, MUMBAI 400007 309 65 28 

ISales Offk:e Is at T Bbck. Unity Buikling, Narashimaraja Square, 222 39 71 

BANGALORE 560002 

Reprography Unit, BIS. New Delhi, India 



